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SERVICE 




HIS book contains complete specifications and 
detailed drawings of Built- Up Roofings for 
steep roof decks. 

It is the SECOND of a series, which treats with 
the following subjects: 



VOLUME I— FLAT ROOF SPECIFICATIONS 

VOLUME II— STEEP ROOF SPECIFICATIONS 

VOLUME III— ROOF FLASHING SYSTEM 

VOLUME IV— ROOF DRAINAGE SYSTEM 

VOLUME V— DAMP-PROOFING AND 

WATER-PROOFING 



i 



The data given in the Reference Series comprises the most 
practical methods and procedure based on nearly three-quarters 
of a century's experience and practice in the field. 



For the unusual roofing or water- proofing problems, we main- 
tain a Construction Service, distinct from our sales organization. 
This Service is at your disposal, for consultation at any time. 



u, 















The 




Company 
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BARRETT SPECIAL (5 -Ply) STEEP ROOF 

FOR USE OVER BOARDS 



FOR INCLINES OVER TWO (2) INCHES AND NOT 
EXCEEDING SIX (6) INCHES TO THE FOOT 




HE roof deck shall be of seasoned lumber, smooth and free from loose boards, large cracks or 
knot holes, and free from loose material. 

FIRST— Lay one (1) thickness of sheathing paper or unsaturated felt weighing not less than five (5) 
pounds per one hundred (100) square feet, lapping the sheets at least one (1) inch. 

SECOND— Over the entire surface lay five (5) plies of Specification Tarred Felt at right angles to 
the incline of the roof, lapping each sheet twenty-six (26) inches over preceding one. Each sheet 
shall be nailed with one (1) inch barbed roofing nails through flat tin disks, ten (10) inches from the 
upper edge, nails to bef spaced not more than one (1) foot apart. 

THIRD— Mop back on each sheet for a distance of twenty (20) inches with Specification Pitch. 
Care shall be taken that pitch moppings are held back two (2) inches from the lower edge of each 
sheet, and that the finished felt surface shall be free of pitch drippage from the mopping bucket. 

FOURTH— Over the entire surface spread with a mop a uniform coating of Barrett Anchor Brand 
Roofing Asphalt into which, while hot, embed not less than two hundred fifty (250) pounds of slag 
for each one hundred (100) square feet. The slag shall be from one-quarter (%) to five-eighths (H) 
inch in size dry and free from dirt. If roofing is applied during cool weather, or slag is damp it 
shall be heated and dried. The slag shall be be warm when applied to the roof. The finished surface 
shall be broomed clean of all loose slag. 

GENERAL— Felt shall be laid without wrinkles or buckles. Not less than sixty (60) pounds of pitch 
and not less than forty (40), nor more than fifty (50), pounds of asphalt shall be used for constructing 
each one hundred (100) square feet of completed roof. The pitch and asphalt shall not be heated 
above four hundred (400) degrees Fahrenheit. 

Where steep roofs join flat roofs, the roofing on the flat surfaces shall be carried up the inclined surfaces 
not less than twenty-four (24) inches before the application of the steep roofing. 

The roof shall be applied by a roofing contractor approved by The Barrett Company. He shall furnish 
The Barrett Company's Surety Bond Guaranty issued by the United States Fidelity & Guaranty 
Company of Baltimore, covering a period of ten (10) years from date of completion in accordance with 

Note No". 1 . 

NOTE No. 1. — The Barrett Company will give its ten-year Guaranty Bond on jobs in the United 
States and Canada where its inspection service is available providing the roof is laid by a roofing con- 
tractor approved by The Barrett Company in strict accordance with the above specification and 
subject to Barrett inspection and approval under the following conditions: 

(a) That the steep roof area shall be roofed in conjunction with the flat roof area. 

(b) That the flat roof area shall be covered with a Barrett Specification Type "A" or Type **AA" roof. 



This specification does not include flat roofing. See Volume I for Flat Roof Specifications. 

- -J V - — 

This specification does not include flashings. See Volume III for Flashing Specifications 



CAUTION: 

Do not tear out 
pages. Mail post 
card (in back of 
the book) and a 
blue print will 
be sent to you. 
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BARRETT SPECIAL (4 -Ply) STEEP ROOF 
FOR USE OVER POURED CONCRETE 



FOR INCLINES OVER ONE (I) INCH AND NOT 
EXCEEDING SIX (6) INCHES TO THE FOOT 



HE roof deck shall be smooth, firm, dry and free from loose material. The concrete shall permit 
of nailing or creosoted wooden nailing strips shall be provided. If nailing strips are provided, 

they shall be laid parallel with the incline of the roof and shall be spaced not more than three (3) 

feet apart. 

FIRST— Strip mop the surface of the concrete deck with Specification Pitch. Strip moppings shall run 
parallel with the incline of the roof and shall be not less than twelve (12) inches nor more than eighteen 
(18) inches wide. The distance between each shall not exceed double the width of the mopping. 

SECOND— Over the entire surface lay four (4) plies of Specification Tarred Felt at right angles to 
the incline of the roof, lapping each sheet twenty-four and one-half (24)4) inches over preceding one. 
Each sheet shall be nailed with one (1) inch barbed roofing nails through flat tin disks ten (10) inches 
from the upper edge, nails to be spaced not more than one (1) foot apart. If nailing strips are used, 
the felt shall be nailed with two (2) nails, through flat tin disks (at each nailing strip) placed eight (8) 
and ten (10) inches respectively from the upper edge of each sheet. 

THIRD — Mop back on each sheet for a distance of twenty (20) inches with Specification Pitch. Care 
shall be taken so that pitch moppings are held back two (2) inches from the lower edge of each sheet 
and that the finished felt surface shall be free of pitch drippage from the mopping bucket. 

FOURTH — Over the entire surface spread with a mop a uniform coating of Barrett Anchor Brand 
Roofing Asphalt, into which, while hot, embed not less than two hundred fifty (250) pounds of slag 
for each one hundred (100) square feet. The slag shall be from one-quarter (%) to five-eighths (H) 
inch in size, dry and free from dirt. If roofing is applied during cool weather, or slag is damp, it 
shall be heated and dried. The slag shall be warm when applied to the roof. The finished surface 
shall be broomed clean of all loose slag. 

GENERAL— Felt shall be laid without wrinkles or buckles. Not less than sixty-five (65) pounds of 
pitch and not less than forty (40), nor more than fifty (50), pounds of asphalt shall be used for con- 
structing each one hundred (100) square feet of completed roof. The pitch and asphalt shall not 
be heated above four hundred (400) degrees Fahrenheit. 

Where steep roofs join fiat roofs, the roofing on the flat surfaces shall be carried up the inclined surfaces 
not less than twenty-four (24) inches before the application of the steep roofing. 

The roof shall be applied by a roofing contractor approved by The Barrett Company. He shall furnish 
The Barrett Company's Surety Bond Guaranty issued by the United States Fidelity & Guaranty 
Company of Baltimore, covering a period of ten (10) years from date of completion in accordance 
with Note No. 1. 

NOTE No. 1. — The Barrett Company will give its ten-year Guaranty Bond on jobs in the United 
States and Canada where its inspection service is available providing the roof is laid by a roofing con- 
tractor approved by The Barrett Company in strict accordance with the above specification and 
subject to Barrett inspection and approval under the following conditions: 

(a) That the steep roof area be roofed in conjunction with the flat roof area. 

(b) That the flat roof area shall be covered with a Barrett Specification Type "A" or Type "A A" roof. 

•« i 

This specification does not include flat roofing. See Volume I for Flat Roof Specifications. 

— d v 

This specification does not include flashings. See Volume III for Flashing Specifications. 
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BARRETT SPECIAL (4-Ply) STEEP ROOF 
FOR USE OVER POURED GYPSUM 



» INCLINES OVER TWO (2) INCHES AND NOT 
EXCEEDING SIX (6) INCHES TO THE FOOT 



T^HL roof deck shall be smooth, firm, dry and free from loose material 

FIRST-Strip mop the surface of the gypsum deck with Specification Pitch Strip mopping* shall 

run parallel with the incline of the roof and shall be not less than twelve (12) inches nor more th > 
aghteen ( 18) inches u .de. The distance between each shall not exceed douhk I I » idth ol the mopp.ng. 

SECONI>-Over the entire surface lay four (4) plies of Specif.- itipn Tarred Felt at ri u angles to 
the ,ncT,ne of the roof, lapping each sheet ? ity-fo, nd one half (24 M) inches over ^>««£ 

Bach sheet shall be nailed with one (lj inch barbed r< fir nails through Mai tin disks ten ( 10) inches 
from the upper edge, nails to be spaced not more than one (I) foot apart. 

THIRD-Mop back on each sheet for a distance of t^cn 20) inches with Specift iti .1 ch. Cai 

shall^aken P so that pitch moppings are held back ti :hes I »m -he tower edg, ol each sheet 

and that the finished felt.surface shall be fre of pitch dnpj ;e Irom the moppil bucket 

FOURTH-Oxcr the entire surface spread w>, ha mop unif mj Ji. of 1 t *^ Brand 

Roofing Asphalt into wh.ch, while hot, embed not less than two undri I fifty ,^-unds oi slag 

fo~ea.cn one hundred ( 100) square feet The si. ill be t -m one uarter ($ to fn .1. lis . 

chlnsiw dry and free from dirt. If roofing is applied du ig < « ithei < *r slag w damn a 
shall be heated Pand dried. The slag shall 1 warm wh ippli > the rool rhefinished8Uff.ee 

shall be broomed clean of all loos< ' [. 

GENERAL-Felt shall be laid without wrinkles oi buckh No< 1< tl nsixi five (6 pounds • 

mfch and not less than forty (4< , nor mon han fifl P< bd P h,\t ^h.A\ h,< , ; ,\ or ,»n- 

SJSctfngeach « hundred Y ( 100) square feet of com *d roof I he , ch and phalt shall not I 

heated above foul hundred (400) d ;rees 1 ahrenhe.t 

Where steep roofs jo.n flat roofs, the roofing on the I suri 1 1 .11 be earn, up 1 1 Inclined sur ces 

not less than twenty-four (24) inches be -re the . Ition oi the steep roolm 

The roof shall be applied by a roofing contractor appro Ifc The] rettCoi Hesi 

The Barrttfc^panVs Surety Bond Guaranty i d I the United St, lit> • ni 

cSmp^y^f bTK, covering a period of ten I irs f rom ite of con, n m accordance 

with Note No. 1. 

NOTE No 1 -The Barrett Comp i) will give it, - vyear Gu Bond on jobs in the Un 

St^tef a^ Canada ^where ts inspect sen i is a. ailable P rov iding th . is laid a roofing con- 
^aetor«1^%^Barrett I Con nyinstrictac ance with the above spec,! t.onancl ibject 

to Barreu inspection and approval under th tollowmg cond.t.ons: 

(a) That the steep roof area shall be roofed in conjun, .n • the >of area 

That the (tot roof ai shall be covered with a BarrettS ficationl pe \ orTypi \A roof. 

Th.s specification « not include flat roofin See Volum, I for Mat Roof Sped .tier* 



-r. -a i^»e ™r »w>hirV flishincrs See Volume III for Hashing 5 ecit ions. 

1 his specification does not include nasmr 
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BARRETT SPECIAL (5 -Ply) STEEP ROOF FOR 

USE OVER PRECAST GYPSUM SLABS 



FOR INCLINES OVER TWO (2) INCHES AND 
NOT EXCEEDING (6) INCHES TO THE FOOT 




LL joints between precast gypsum slabs shall be properly pointed up. The roof deck shall be 
smooth, firm, dry and free from loose material. 

FIRST— Over the entire surface lay five (5) plies of Specification Tarred Felt at right angles to the 
incline of the roof, lapping each sheet twenty-six (26) inches over preceding one. Each sheet shall be 
nailed with one (1) inch barbed roofing nails, through flat tin disks, ten (10) inches from the upper 
edge, nails to be spaced not more than one (1) foot apart. 

SECOND— Mop back on each sheet for a distance of twenty (20) inches with Specification Pitch. 
Care shall be taken that pitch moppings are held back two (2) inches from the lower edge of each 
sheet, and that the finished felt surface shall be free of pitch drippage from the mopping bucket. 

THIRD— Over the entire surface spread with a mop a uniform coating of Barrett Anchor Brand 
Roofing Asphalt, into which, while hot, embed not less than two hundred fifty (250) pounds of slag 
for each one hundred (100) square feet. The slag shall be from one-quarter (J4) to five-eighths (si) 
inch in size, dry and free from dirt. If roofing is applied during cool weather or slag is damp, it shall 
be heated and dried. The slag shall be warm when applied to the roof. The finished surface shall be 
broomed clean of all loose slag. 

GENERAL— Felt shall be laid without wrinkles or buckles. Not less than sixty (60) pounds of pitch 
and not less than forty (40), nor more than fifty (50), pounds of asphalt shall be used for constructing 
each one hundred (100) square feet of completed roof. The pitch and asphalt shall not be heated 
above four hundred (400) degrees Fahrenheit. 

Where steep roofs join flat roofs, the roofing on the flat surfaces shall be carried up the inclined surfaces 
not less than twenty-four (24) inches before the application of the steep roofing. 

The roof shall be applied by a roofing contractor approved by The Barrett Company. He shall furnish 
The Barrett Company's Surety Bond Guaranty issued by the United States Fidelity & Guaranty 
Company of Baltimore, covering a period of ten (10) years from date ot completion in accordance 

with Note No. 1 . 

NOTE No. 1.— The Barrett Company will give its ten-year Guaranty Bond on jobs in the United 
States and Canada where its inspection service is available providing the roof is laid by a roofing con- 
tractor approved by The Barrett Company in strict accordance with the above specification and 
subject to Barrett inspection and approval under the following conditions: 

(a) That the steep roof area shall be roofed in conjunction with the flat roof area. 
(b) 



That the flat roof area shall be covered with a Barrett Specification Type "A"' or Type "A.\" roof 



This specification does not include flat roofing. 



See Volume I for Flat Roof Specifications. 



This specification does not include flashings. 



See Volume III for Flashing Specifications 
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BARRETT SPECIAL S. I. S. STEEP ROOF 

FOR USE OVER BOARDS 

FOR INCLINES EXCEEDING FOUR (4) INCHES TO THE FOOT 

HE roof deck shall be of seasoned lumber, smooth and free from loose boards, large cracks or 
knot holes, and free from loose material. 

FIRST-Over the entire surface lay two (2) plies of Specification Tarred Felt at right angles to the 
incline of the roof, lapping each sheet seventeen (17) inches over preceding one. Each sheet shall be 
nailed two (2) inches from the lower edge with barbed roofing nails, through flat tin disks, spacing 
the nails not more than eighteen (18) inches apart. 

SECOND— Over the entire surface spread with a mop a uniform coating of Barrett Anchor Brand 
Roofing Asphalt, into which, while hot, shall be immediately rolled Barrett S I. S. Roofing ad a 
rieht ancles to he incline of the roof, lapping the sheets the full width of the seventeen (1 7) inch 
selvage All sheets of Barrett S. I. S. Roofing shall be securely astcned in place with a double course 
of one (1) inch barbed roofing nails driven through flat tin disks and P l. J along the selvage side 
of the sheet Nailing courses to be staggered and nails to be spaced not more than twelve (12) inches 

aparT. The lower nfiTlng course shall be held back two (2) inches from the mineral surfacing. 

THIRD— Spread over the entire surface of the seventeen (17) inch selvage a uniform mopping of 
™re^ncC Brand Roofing Asphalt, into which, while hot, shall be immediately rolled the follow.ng 
sheet of Barrett S. I. S. Roofing. 

FOURTH-All end laps shall be over-lapped at least six (6) .nches. The underlying sheet of each end 
lap shall be nailed with six (6) nails through flat tin disks spaced five (5) inches apart starting one (1 > 
nchfmm the lower edge of the sheet. The six (6) inch lap shall be coat 1 with Barrett Anchor 
Brand Roofing Asphalt and the over-lapping sheet thoroughly pressed down. 

FIFTH-The Barrett S. I. S. Roofing shall be cut in strips not to exceed twenty (20) feet in length 
and shall be stacked flat in piles at least twenty-four (24) hours before using. 

f-FNFRAT The felt and S I S Roofing shall be laid without wrinkles or buckles. Not less than 
fi^^ofBSm^ Brand Roofing Asphalt shall be used for constructing each one 

hundred (100) square feet of completed roof. 

st-asasa $>■ arts t «ss wsa? ,nclmed surraces 

Company of Bakimore covering a period of ten (10, years from date of completion ,n accordance 

with Note No. 1. 

NOTE No 1 —The Barrett Company will give its ten-year Guaranty Bond on jobs in the United 
INUlts ino. i. ine Ddiic i __Jl ct jJ in serv ice is available providing the roof is laid by a roofing 
fSZZStSA tFnS *h2K cSn^ny V ^ic« accordance wfth the above spec, ;at,on and 
sub ect °o Ba'rrctt lnspect,on and approval under the following cond.rions 
(a) That the steep roof area shall be roofed in conjunction with the flat roof area_ 

(b, te the flat roof area shall be covered with a Barrett Specification Type A or Type AA roof. 



( 



This specification does not include flat roofing. See Volume I for Flat Roof Specifications. 






( ) 



This specification does not include flashings. See Volume III for Flashing Spec, fie at. ons. 
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BARRETT SPECIAL S. L S. STEEP ROOF 
FOR USE OVER POURED CONCRETE 

FOR INCLINES EXCEEDING FOUR (4) INCHES TO THE FOOT 

THE roof deck shall be smooth, firm, dry and free from loose material. The concrete shall permit 
of nailing or creosoted wooden nailing strips shall be provided. If nailing strips are provided, 
they shall be laid parallel with the incline of the roof and shall be spaced not more than three (3) 
feet apart. 

FIRST— The surface of the concrete deck shall be given a priming coat of Barrett Crystal Liquid 
Roof Coating. The priming coat shall be allowed to dry for not less than six (6) hours before the 
application of the Barrett Anchor Brand Roofing Asphalt. 

SECOND — Over the entire surface of the roof deck spread with a mop a uniform coating of Barrett 
Anchor Brand Roofing Asphalt, into which, while hot, shall be immediately embedded one (1) pl> 
of Specification Tarred Felt, laid at right angles to the incline of the roof, lapping each sheet six (6i 
inches over preceding one. The six (b) inch over-lap shall be thoroughly cemented together with 
Barrett Anchor Brand Roofing Asphalt. The felt shall be nailed two (2) inches from the lower edge 
of each sheet, with barbed roofing nails through flat tin disks, spacing the nails not more than eighteen 
(18) inches apart. If nailing strips are used, the felt shall be nailed with three (3) nails through flat 
tin disks spaced eight (8) inches apart starting two (2) inches from the lower edge ot each sheet, at 
each nailing strip. 

THIRD — Over the entire surface spread a uniform mopped coating of Barrett Anchor Brand Roofing 
Asphalt, into which, while hot, shall be immediately rolled Barrett S. I. S. Roofing laid at right angles 
to the incline of the roof, lapping the sheets the full width of the seventeen (17) inch selvage. All 
sheets of Barrett S. IS. Roofing shall He securely fastened in place with a double course of one ( 1 ) inch 
barbed roofing nails driven through flat tin disks, and placed along the selvage side ot the sheet. 
Nailing courses to be staggered and nails to be spaced not more than twcK ( 12.) inches apart. I he 
lower nailing course shall be held back two (2) inches from the mineral surfacing. If nailing strips 
are used, the S. I. S. Roofing shall be nailed with three (3) nails driven through (lat tin disks, spaced 
six (b) inches apart, at each nailing strip. 

FOURTH— Spread over the entire surface of the . . 

of Barrett Anchor Brand Roofing Asphalt, into which shall be immediately rolled the following sheet 

of Barrett S. I. S. Roofing. 

FIFTH— All end laps shall be over-lapped at least six (6) inches. The underlying sheet of each end 

lap shall be nailed with six (6) nails through flat tin dis! paced h\e (5) inches apart starting one (1 

inch from the lower edge of the sheet. The six (6) inch lap shall be coated with Barrett Anchor Brand 

Roofing Asphalt and the over-lapping sheet thoroughly pressed down. 

SIXTH— The Barrett S. I. S. Roofing shall be cut in strips not to exc ed twenty (20, feet in length 

and shall be stacked flat in piles at least twenty-four (24) hours before using. 

GENERAL— The felt and S I. S. Roofing shall be laid without wrinkles or buckles. Not less than 

one hundred (100) pounds of Barrett Anchor Brand Roofing Asphalt shall be used for constructing 

each one hundred (100) square feet of completed root. 

Where steep roofs join flat roofs, the roofing on the flat surfaces shall be earn, up the inclined surfaces 

not less than twentv-four (24) inches before the application ot the steep roofing. 

The roof shall be applied by a roofing contractor approved by The Barrett Company. He shall furnish 

The Barrett Company's Surety Bond Guaranty issued b> the United States Fidelity cv Guaranty 

Company of Baltimore, covering a period of ten (10) years from date o» completion in accordance 

with Note No. 1. . . n_^_i 

NOTE No 1 —The Barrett Company will give its ten-year Guaranty Bond on jobs in the United 
States and Canada where its inspection service is available providing the roof is laid by a roofing con- 
tractor approved by The Barrett Company in stnet accordance with the above specilication and 
subject to Barrett inspection and approval under the following conditions: 

(a) That the steep roof area shall be roofed in conjunction with the flat roof area. 

(b) That the flat rcof area shall be covered with a Barrett Specification Type A " or Type "AA" roof. 

This specification does not include flat roofing. See Volume I for Flat Roof Specifications. 



seventeen 



• i i 



This specification does not include flashings. See Volume III for Flashing Spec.fi, t.ons. 
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BARRETT SPECIAL S. I. S. STEEP ROOF 
FOR USE OVER POURED GYPSUM 



INCLINES 



(4) INCHES TO THE FOOT 




HE rcof deck shall be smooth, firm, dry and free from loose material. 

FIRST— The surface of the gypsum deck shall be given a priming coat of Barrett Crystal Liquid 
Roof Coating. The priming coat shall be allowed to dry for not less than six (6) hours before the 
application of the Barrett Anchor Brand Roofing Asphalt. 

SECOND— Over the entire surface of the roof deck spread with a mop a uniform coating of Barrett 
Anchor Brand Roofing Asphalt, into which, while hot, shall be immediately embedded one (1) ply 
of Specification Tarred Felt, laid at right angles to the incline of the rooUapping each sheet six 6) 
inches over preceding one. The six (6) inch over-lap shall be thoroughly cemented together with 
Barrett Anchor Brand Roofing Asphalt. The felt shall be nailed two (2) inches from the lower edge 
of each sheet, with barbed roofing nails through flat tin disks, spacing the nails not more than eighteen 
(18) inches apart. 

THIRD-Over the entire surface spread a uniform mopped coating of Barrett Anchor Brand Roofing 
Asphalt into which, while hot, shall be immediately rolled Barrett S. I. S. Roofing laid at right angles 
to ?he incline of the roof, lapping the sheets the full width of the seventeen (17) inch selvage. All 
sheets of Barrett SI. S. Roofing shall be securely fastened in place with a double course of one and 
one-half (l5 ) inch barbed roofing nails driven through flat tin disks, and placed along the selvage 
side of the sheet Nailing course? to be staggered and nails to be spaced not more than twelve 12) 
b^^L%^^«^ng course shall be held back two (2) inches from the mineral surfacing. 

FOURTH— Spread over the entire surface of the seventeen (17) inch selvage a uniform mopping of 

BarVett Anchor Brand Roofing Asphalt, into which, while hot, shall be immediately rolled the following 

sheet of Barrett S. I. S. Roofing. 

FTFTH— All end laps shall be over-lapped at least six (6) inches. The underlying sheet of each end 

fap7hall be nSed wTth s?x (6) nails through flat tin disks spaced five (5) inches apart starting one (1) 

inch 'from ^the Tower edge of the sheet. The six (6) inch lap shall be coated with Barrett Anchor Brand 

Roofing Asphalt and the over-lapping sheet thoroughly pressed down. 

SIXTH-The Barrett S. I. S. Roofing shall be cut in strips not to exceed twenty (20) feet in length 

and shall be stacked flat in piles at least twenty-four (24) hours before using. 

GENERAL— The felt and S. I. S. Roofing shall be laid without wrinkles or buckles. Not less than 

one hundred (100) pounds of Barrett Anchor Brand Roofing Asphalt shall be used for constructing 

each one hundred (100) square feet of completed roof. 

Where steep roofs join flat roofs, the roofing on the flat surfaces shall be carried up the inclined surfaces 

not less than twenty-four (24) inches before the application of the steep roofing. 

The roof shall be applied bv a roofing contractor approved by The Barrett Company. He shall furnish 
The Ba ret? Com,Ws Surety Bond Guaranty issued by the United States Fidelity & Guaranty 
Company of gakimo'e covering a period of ten (10) years from date of completion ,n accordance 

with Note No. 1 . 

NOTE No 1 -The Barrett Company will give its ten-year Guaranty Bond on jobs in the United 
Statef and Canada where its inspection service is available providing the roof is laid by a roofing 
contract? aporoved by The Barrett Company in strict accordance with the above specification and 
subject to Barrett inspection and approval under the following conditions: 

(a) That the steep roof area shall be roofed in conjunction with the flat roof area 

(b) That the flat roof area shall be covered with a Barrett Specification Type A or Type AA roof. 

I D- — 

This specification does not include flat roofing. See Volume I for Flat Roof Specifications. 



I — 



This specification does not include flashings. See Volume III for Flashing Specifications. 
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BARRETT SPECIAL S. I. S. STEEP ROOF 
FOR USE OVER PRECAST GYPSUM SLABS 



FOR INCLINES EXCEEDING FOUR (4 ) INCHES TO THE FOOT 



ALL joints between precast gypsum slabs shall be properly pointed up. The roof deck shall be 
i smooth, firm, dry and free from loose material. 

FIRST— Over the entire surface lay two (2) plies of Specification Tarred Felt at right angles to the 
incline of the roof, lapping each sheet seventeen (17) inches over preceding one^ Each sheet shall be 
nailed two (2) inches from the lower edge with barbed roofing nails, through flat tin disks, spacin~ 
the nails not more than eighteen (18) inches apart. 

SECOND— Over the entire surface spread with a mop a uniform coating of Barrett Anchor Brand 
Roofing Asphalt, into which, while hot, shall be immediately rolled Barrett S. I. S. Roofing laid at 
right angles to the incline of the roof, lapping the sheets the full width of the seventeen (17) inch 
selvage. All sheets of Barrett S. I. S. Roofing shall be securely fastened in place with a double course 
of one and one-half (IK) inch barbed roofing nails driven through flat tin disks, arid placed along 
the selvage side of the sheet. Nailing courses to be staggered and nails to be spaced not more than 
twelve (12) inches apart. The lower nailing course shall be held back two (2) inches from the mineral 
surfacing. 

THIRD— Spread over the entire surface of the seventeen (17) inch selvage a uniform mopping of 
Barrett Anchor Brand Roofing Asphalt, into which, while hot, shall be immediately rolled the following 
sheet of Barrett S. I. S. Roofing. 

FOURTH— All end laps shall be over-lapped at least six (6) inches. The underlying sheet of each 
end lap shall be nailed with six (6) nails through flat tin disks spaced five (5) inches apart starting 
one ( 1 ) inch from the lower edge of the sheet. The six (6) inch lap shall be coated with Barrett Anchor 
Brand Roofing Asphalt and the over-lapping sheet thoroughly pressed down. 

The Barrett S. I. S. Roofing shall be cut in strips not to exceed twenty (20) feet in length 



FIFTH 



and shall be stacked flat in piles at least twenty-four (24) hours before using. 

GENERAL— The felt and S. I. S. Roofing shall be laid without wrinkles or buckles. Not less 
than fifty (50) pounds of Barrett Anchor Brand Roofing Asphalt shall be used for constructing each 
one hundred (100) square feet of completed roof. 

Where steep roofs join flat roofs, the roofing on the flat surfaces shall be carried up the inclined surfaces 
not less than twenty-four (24) inches before the application of the steep roofing. 

The roof shall be applied by a roofing contractor approved by The Barrett Company He shajl furnish 
The Barrett Company's Surety Bond Guaranty issued by the United States Fidelity & Guaranty 
Company of Baltimore, covering a period of ten (10) years irom date of completion in accordance 

with Note No. 1 . 

NOTE No. 1.— The Barrett Company will give its ten-year Guaranty Bond on jobs in the United 
States and Canada where its inspection service is available providing the root is laid by a roofing con- 
tractor approved by The Barrett Company in strict accordance with the above specification and 
subject to Barrett inspection and approval under the following conditions: 

(a) That the steep roof area shall be roofed in conjunction with the flat roof area. 

( b) That the fiat roof area shall be covered with a Barrett Specification Type * A or Type AA root . 



• i 



This specification does not include flat roofing. See Volume I for Flat Roofing Specifications. 



■i 



This specification does not include flashings. See Volume III for Flashing Specifications 
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